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Message Text 


UNCLASSIFIED 

PAGE 01 SINAI 01717 161425Z 

20 

ACTION SSM-05 

INFO OCT-01 NEA-10 ISO-OO OC-06 CCO-OO OES-06 /028 W 

013528 

R 161355Z SEP 76 
FM USMISSION SINAI 
TO SECSTATE WASHDC 1019 

UNCLAS SINAI 1717 

FOR SSM 

E.O. 11652: N/A 

TAGS: ASUP, OGEN 

SUBJECT: SFM WATER ANALYSIS 

REF: SINAI 1710 

SFM WATER ANALYSIS FOR 15 SEPTEMBER 1976 AS FOLLOWS: 


TIME: 


0200: TEMP 21 DEG C; CHLORINE RESIDUES 8.0 MG/LITER; PH 7.7; 
TOTAL DISSOLVED SOLIDS 1.4 PPM; TURBIDITY 5 JTU; 

CHLORIDE 800 MG/LITER; HARDNESS 600 MG/LITER; ALKALINITY 
100 MG/LITER; FERROUS IRON 0 MG/LITER; FERRIC 
IRON 0 MGYIVLITER. 

0400: TEMP 21 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

0600: TEMP 20 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

0800: TEMP 20 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

1000: TEMP 22 DEG C, CHLORINE RESIDUES 7.1 MG/LITER. 

1200: TEMP 24 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

1400: TEMP 28 DEG C; CHLORINE RESIDUES 7.1 MG/LITER; PH 7.3; 

TOTAL DISSOLVED SOLIDS 1.0 PPM; TURBIDITY 5 JTU; 
UNCLASSIFIED 

UNCLASSIFIED 
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CHLORIDE 800 MG/LITER: HARDNESS 580 MG/LITER; ALKALINITY 
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100 MG/LITER; FERROUS IRON 0 MG/LITER; FERRIC 
IRON 0 MG/LITER. 

1600: TEMP 31 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

1800: TEMP 32 DEG C, CHLORINE RESIDUES 7.1 MG/LITER. 

2000: TEMP 32 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

2200: TEMP 29 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 

2400: TEMP 25 DEG C, CHLORINE RESIDUES 7.0 MG/LITER. 
THORNE 

UNCLASSIFIED 
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Message Attributes 


Automatic Decaptioning: X 

Capture Date: 01 JAN 1994 

Channel Indicators: n/a 

Current Classification: UNCLASSIFIED 

Concepts: n/a 

Control Number: n/a 

Copy: SINGLE 

Draft Date: 16 SEP 1976 

Decaption Date: 01 JAN 1960 

Decaption Note: 

Disposition Action: n/a 
Disposition Approved on Date: 

Disposition Authority: n/a 
Disposition Case Number: n/a 
Disposition Comment: 

Disposition Date: 01 JAN 1960 
Disposition Event: 

Disposition History: n/a 
Disposition Reason: 

Disposition Remarks: 

Document Number: 1 976SINAI01 717 

Document Source: CORE 

Document Unique ID: 00 

Drafter: n/a 

Enclosure: n/a 

Executive Order: N/A 

Errors: N/A 

Film Number: D760350-0795 
From: SINAI 

Handling Restrictions: n/a 
Image Path: 

ISecure: 1 

Legacy Key: Iink1976/newtext/t19760953/aaaabsyx.tel 

Line Count: 74 

Locator: TEXT ON-LINE, ON MICROFILM 
Office: ACTION SSM 
Original Classification: UNCLASSIFIED 
Original Handling Restrictions: n/a 
Original Previous Classification: n/a 
Original Previous Handling Restrictions: n/a 
Page Count: 2 

Previous Channel Indicators: n/a 
Previous Classification: n/a 
Previous Handling Restrictions: n/a 
Reference: 76 SINAI 1710 
Review Action: RELEASED, APPROVED 
Review Authority: vandyklc 
Review Comment: n/a 
Review Content Flags: 

Review Date: 12 MAR 2004 
Review Event: 

Review Exemptions: n/a 

Review History: RELEASED <12 MAR 2004 by MaustMC>; APPROVED <23 AUG 2004 by vandyklo 

Review Markings: 

Margaret P. Grafeld 
Declassified/Released 
US Department of State 
EO Systematic Review 
04 MAY 2006 


Review Media Identifier: 

Review Referrals: n/a 
Review Release Date: n/a 
Review Release Event: n/a 
Review Transfer Date: 

Review Withdrawn Fields: n/a 
Secure: OPEN 
Status: NATIVE 

Subject: SFM WATER ANALYSIS 
TAGS: ASUP, OGEN 
To: STATE 
Type: TE 
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